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Sub.ject  44 

To:  Holders 


March  23,   1949 

of  the  Standard  for  Rubber-Covered  Wires 
and  Cables. 


-,  ...or.  Roc,iotarce  of  Type  RU  Rubber-Covered 
Subject:-  Insulation  Resistance  oi  ^yt 


Wires. 
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itever  In  con- 
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values  for 
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Subject  51^ 
To: 


February  21,  19^9 

Holders  of  the  Standard  for  Outlet  Boxes 
and  Fittings. 


Subject:   Aluminum  Outlet  Boxes  and  Covers. 

There  were  no  adverse  comments  in  connection 
with  the  propoE'nl  set  forth  in  the  Laboratories' 
bulletin  of  December  10,  19^8,  in  v;hich  minimum  values 
for  the  thickness  and  mechanical  strength  of  sheet 

aluminum  were  cu.r^gested. 

Accord jncly,  a  printed  sticker  Insert  has 
been  prepared,  baced  on  the  information  contained  in 
the  bulletin,  and  a  copy  is  attached.  Please  insert 
this  on  page  7  of  your  copy  of  the  Standard. 


UNDERWRITERS'  LABORATORIES,  INC. 

/     H.  B.'  SMITH     ' 
Associate  Electrical  Engineer 


% 


21  .\ 


An  outlet  box  or  cover  made  of  a  sheet-aluminum  alloy  shall  be  not 
ti      07^1**^^  *^^"  0.091  inch  in  thickness  at  any  point,  except  that  a  sharply  bent 
1    ,1  section  having  a  ladius  of  curvature  of  not  more  than  V4  inch  may  be  less 

I  '  ^^      than  0.091  but  not  less  than  0.087  inch  in  thickness;   and  no  minus  toler- 
{  ance  is  applicable  to  either  of  these  dimensions.     The  aluminum  alloy 

[  shall  have  a  tensile  strength  of  not  less  than  17,000  pounds  per  square  inch. 
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subject  873  ^^y  ^°'   ^9^5 

To-  Holders  of  the   Standard  for  Temperature-Indicating 

and  -Regulating  Equipment. 

Subject:      Amended  Table  of  Spacing  Requirements. 

There  were  no  adverse   comments  in  connection  with 
the  proposal  contained  in  the  Laboratories'   t.ulletin  of 
March  9.     Accordingly,      the   accompanying  revised  page  has 
been  prepared  --  and  this  chould  be   inserted  on  page  20  of 


/ 


! 


3 

[I 


General 

Maximum  Rating 
of  1600  VA,  300  V 

Range  and  Water- 
Heater  Thermostats 

A 

B 

c 

D 

0-150 
Volts 

151-300 
Volts 

301  -  600 
Volts 

Room 

Th'stats, 

0-300 

Volts 

General, 

0-300 

Volts 

0-150 
Volts 

151-300 
Volts 

Between  any  uninsulated   live  part  and   an 
uninsulated  live  part  of  opposite  polarity, 
uninsulated  grounded  part  other  than  the 

Through 
Air  or  Oil 

(a)(b)(g) 

'4 

(bj(g)(h) 

(b)(g) 

(a)fc) 

(a)  (b)  (g) 

(a)  (e) 

H 

(a)  (e) 

enclosure,  or  exposed  metal  part  which  is 
isolated  (insulated) 

Over  .Sur- 
face 

H 
(g) 

(.S)  (h) 

1 ,, 
(g") 

(a)(c) 

(g) 

J  8 

(a)(e) 

(e) 

Between  an   uninsulated   live   part   and   the 
walls     of     a     metal     enclosure,     including 
fittings  for  conduit  or  armored  cable  (!) 

Shortest 
Distance 

li 

1,; 

1 ,; 

H 

}i 

li 
(d) 

(d) 

NOTE.  The  volt-ampere  equivalent  of  a  horsepower  rating  is  to  be  taken  as  the  product  of  the  voltage  and  full-load  current 
as  given  in  the  tables  in  paragraphs  l.")0  and  l.i.3. 

The  si)acings  at  an  individual  component  part  arc  to  be  judged  on  the  basis  of  the  total  volt-ampere  consumption  of  the 
equipment  which  the  component  part  controls. 

(a)  The  spacing  between  wiring  terminals  of  opposite  polarity  shall  be  not  less  than  H  inch;  except  that  if  short  circuit- 
ing or  grounding  of  such  terminals  will  not  result  from  projecting  strands  of  wire,  the  spacing  need  not  be  greater  tlian  that 
given  in  the  above  table. 

(b)  For  a  safety  control,  the  spacing  between  wiring  terminals,  irrespective  of  polarity,  and  Ijetwecu  wiring  terminals  and 
metal  parts  (including  the  enclosure)  which  may  be  grounded  when  the  device  is  installed,  shall  be  not  less  than  I4'  inch  if  a  short 
circuit  between  such  parts  may  result  in  unsafe  operation  of  the  controlled  device. 

(c)  If  the  reduced  spacings  indicated  in  Column  B  of  the  table  are  employed,  one  sample  of  each  representative  room 
thermostat  is  required  to  meet  annually  the  applicable  overload  and  dielectric-strength  tests. 
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Subject  499  ^ay  5,  19^9 

To:        Holders  of  the  Standard  for  Electric  Heating  Appliances, 

Subject:   Correction  of  Error  in  the  Standard. 

In  our  bulletin  of  February  3,  1948  there  were  pre- 
sented for  your  consideration  certain  proposed  revisions  of 
the  fourth  edition  of  the  Laboratories'  Standard  for  Electric 
Heating  Appliances,  among  which  was  a  proposal  for  a  modifica- 
tion of  paragraph  55  of  that  editionp  No  objections  were  re- 
ceived concerning  this  proposal  and  the  paragraph  in  question 
was  amended  accordingly. 


It  has  been  disc 
the  preparation  of  the  text 
Standard,  and  that  paragrap 
the  fourth  edition  became  p 
because  of  the  insertion  of 
incorrect.  The  attached  st 
corrected,  should  be  attach 
Standard  by  superimposing 
corresponding  number. 


overed  that  an  error  was  made  in 

for  the  fifth  edition  of  the 
h  60  of  the  latter  (paragraph  55  of 
aragraph  6o  of  the  fifth  edition 
new  material  in  the  Standard)  is 
icker,  on  which  the  error  has  been 
ed  to" page  13  of  your  copy  of  the 
it  over  the  existing  paragraph  of 
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Subject  496  December  5,    I95O 

TO:  Holders  of   the  Standard  for  Edison-Base  Lampholders 

Subject:        Aluminum  Screw  Shells, 


under  date  of  August  3,    the   Laboratories  addressed 
a   bulletin  to   the  Electrical   council  and   to  manufacturers   of 
listed  Edison-base   lampholders  on  the   subject  of  aluminum 
screw  shells,    in  which   there  was   indicated  a   proposed  change 
in  the   single-asterisk  note  at   the   bottom  of   the    table   in 
paragraph  82  of  the  January,    I949  edition  of   the  Standard 
for  Edison-Base  Lampholders, 

As    the   result   of   comments   from  all   sources   during 
the   past  three  months,    it   has   been  Judged  to   be  advisable 
to  amplify  the  note   somev;hat  and   to  make    it  more   specific 
regarding  the   characteristics  of   the   aluminum  alloy   in 
question.     Accordingly,    the  adopted   text   is   that  which  appears 
on  the   attached  sticker  insert;    and  this 
on  page   14  of  your  copy  of   the   Standard. 


that  which 
should  be   inserted 
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Subject  496  June  1,    1951 

To:  Holders   of  the  Standard  for  Edison-Base  Lamp- 

holders. 

Subject:       Recognition  of  Brass  for  Screw-Shells   of 

Weatherproof  Lampholders . 


A   bulletin  on  this   subject  dated  March  22  ad- 
vised the  Laboratories'   Electrical  Council  and  the  manu- 
facturers  of   listed  Edison-Base  Lampholders   of  a   proposal 
to  recognize  brass  for  the  screw-shells   of  weatherproof 
lampholders.     The  proposal   followed  a   discussion  of   the 
subject  at  an  Industry  Advisory  Conference  meeting   in 
February,   at  which   it  was   the  consensus   that  brass   con- 
taining less   than  8o  percent   of  copper  would  be  acceptable 
provided  that   it   is   properly  annealed  after  processing 
and   is   capable   of  withstanding  without  cracking  an  immer- 
sion for  15  minutes   in  an  aqueous  solution   of  100  grams   of 
mercurous  nitrate  and  13   cc   of  nitric  acid    (sp.g.    1.42)  per 
liter. 

Accordingly,    paragraph  75   of  the  Laboratories' 
Standard  for  Edison-Base  Lampholders   has   been  revised  to 
delete  the  previous   restriction  and   to   permit   the   use   of 
brass  which  has  been  shown  by  special   investigation  to  be 
suitable  for  the  purpose.      Please   insert   the  attached 
sticker  on  page   13   of  your  copy  of   the  Standard. 
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Screw-shells  shall  be  of  copper,  brass,  or  other  metal  which  has  been  '^^  j 

investigated  and  found  to  be  suitable  for  the  purpose  and,  in  the  medium- 
base  size,  shall  comply  with  the  requirements  of  paragraphs  172-174. 
Aluminum  screw-shells  shall  not  be  used  in  weatherproof  lampholders, 
and  brass  shall  not  be  employed  unless  it  has  been  shown  by  special 
investigation  to  be  suitable  for  the  purpose.  .=- — — ^ 
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Subject  719  June   1,    1951 

To:  Holders    of  the   Standard  for   Nonmetalllc-Sheathed 

Cable. 

Subject:        Recognition   of  Three-Conductor  Parallel   Non- 
metalllc-Sheathed Cable. 

There  were  no  adverse  comments   resulting  from 
the   proposal   set   forth   in  the  bulletin  of  March   22, 
addressed   to   the  manufacturers   of  labeled  nonmetallic- 
sheathed  cable,    to   recognize  a   three-conductor  parallel 
nonmetallic-sheathed  cable   on  the   basis   of  special   inves- 
tigation. 

Accordingly,    paragraph  37   of    the   Laboratories' 
Standard  for  Nonmetallic-Sheathed  Cable   has   been  revised 
by  means   of   the  attached   sticker.      Please   insert   this    on 
page   10  of  your  copy   of  the  Standard. 
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*•'■  Not  less  than  two  nor  more  than  four  insulated  conductors  shall  be 

.1       used  in  the  assembly  of  nonmetallic-sheathed  cable.     A  two-conductor 
cable  may  have  the  individual  conductors  laid  parallel  or  twisted  together 
/  in  a  helical  lay  beneath  the  outer  covering.    A  three-conductor  cable  may 
v)      have  the  individual  conductors  twisted  together,  or  the  individual  con- 
L^  •         ductors  may  be  laid  parallel  if,  as  the  result  of  special  investigation  of  the 
cable,  the  construction  is  judged  to  be  suitable  for  the  purpose.    A  four- 
conductor  cable  shall  have  the  individual  conductors  twisted  together  in  a 
helical  lay  beneath  the  outer  covering.    The  lay  of  twist  for  any  numbei  of 
conductors  shall  be  as  indicated  in  the  following  table. 
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Subject  6S1 


February  7,  1952 


BULLETIN 


TO: 


Holders  of  the  Standard  for  Installation, 
Classification,  and  Certification  of 
Burglar  Alarm  Systems. 


A  study  of  statistics  secured  from  electric 
power  and  burglar  alarm  companies  on  the  frequency  and 
duration  of  major  power  interruptions  on  110-v,  a-c 
supply  for  electronic  systems  by  the  Laboratories' 
Industry  Advisory  Conference  on  Burglar  Alarm  Systems 
indicated  that  the  Laboratories'  requirements  for  stand- 
by power  should  be  modified.   Accordingly,  paragraph  111- 
the  interpretation  of  paragraph  110 — of  the  Standard  for 
Installation,  Classification,  and  Certification  of 
Burglar  Alarm  Systems  has  been  revised. 

Attached  is  a  sticker  insert  carrying  the  re- 
vised text  of  paragraph  111.   Please  insert  it  at  the 
proper  place  at  the  bottom  of  page  16  of  your  copy  of 
the  Standard, 
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February  7,  1952 


BULLETIN 


TO: 


Holders  of  the  Standard  for  Tin-Clad 
Fire  Doors  and  Shutters. 


The  Standard  for  Tin-Clad  Fire  Doors  and 
Shutters  has  been  revised  to  delete  reference  tn 
"barbed"  nails.   Either  smooth  or  barbed  nails  may  be 
used  for  application  of  the  metal  covering  on  tin- 
clad  fire  doors  and  shutters  in  the  future* 

Attached  is  a  sticker  insert  carrying  the 
revised  text  of  paragraph  41  and  which  indicates  that 
paragraph  42  has  been  deleted. 

Please  insert  this  sticker  at  the  proper 
place  on  page  10  of  your  copy  of  the  Standard* 
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February'-  5,    1952 


BULLETIN 


TO: 


Holders  of  the  Standard  for  Cotton 
Rubber-Lined  Fire  Hose. 


The  Standard  for  Cotton  Rubber-Lined  Fire 
Hose  has  been  revised  to  provide  for  investigation 
of  fire   hose   jackets  employing  fibers  other  than 
cotton. 

The  attached  sticker  has,  accordingly, 
been  issued  as  an  amendment,  and  should  be  inserted 
on  page   5  of  the  April  1943  edition  of  the  Standard. 
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Associate  Chemical  Engineer 


'■'  The  jackets  .shall  he  well,  evenly,  and  tirmly  made  from  good  cotton,  as 
free  from  imsiEhtly  defects,  dirt,  knots,  lumps,  and  irreRularities  of  twist 
as  is  consistent  with  good  manufacturing  practice.  Jackets  made  of  fibers  or 
filaments  other  than  cotton  may  be  made  the  subject  of  a  special  investiga- 
tion, and  if  found  to  be  substantially  equivalent,  will  be  given  recognition. 
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Subject  512  May  l4,  1952 

To:       Holders  of  the  Standard  for  Fuseholders. 
Subject:  Revisions  of  the  Standard. 


In  a  bulletin  dated 
that  a  new  paragraph  be  added 
Fuseholders  to  give  informati 
acceptable  for  use  as  screw-s 
indicated  that  it  would  be  de 
text  of  the  new  paragraph  to 
value  and  to  give  additional 
composition;  and  it  has  been 


October  2,  1951  It  was  proposed 
to  the  Laboratories '  Standard  for 
on  concerning  aluminum  which  is 
hells.  Subsequent  consideration 
sirable  to  modify  the  proposed 
omit  the  minimum  tensile-strength 
particulars  concerning  the  chemical 
adopted  as  modified. 


Experience  has  shown  that  a  female,  medium-base, 
aluminum  screw-shell  in  a  lampholder  should  have  a  minimum 
thickness  of  0.015  inch;  and  that  value  is  now  specified  in 
the  Standard  for  Edison-Base  Lampholders.   It  was  concluded 
that  the  same  minimum-thickness  requirement  should  be  applied 
to  fuseholder  screw-shells  of  aluminum,  and  paragraph  55  of 
the  Standard  for  Fuseholders  has  been  revised  accordingly. 

These  amendments  become  effective  on  January  1,  1953* 
A  printed  sticker  insert  has  been  prepared  to  give  the  texts  of 
the  new  and  revised  paragraphs  for  the  Standard,  and  a  copy  of 
this  sticker  is  attached.   Please  insert  it  on  page  13  of  your 
copy  of  the  Standard. 
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35  The  screw-shell  of  a  plug  fuseholder  shall  be  not  less  than  0.012 

9237'"*^^  in  thickness  if  of  copper  or  a  copper  alloy,  and  shall  be  not  less 
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than  0.015  inch  in  thickness  if  of  an  aluminum  alloy. 

.Vn  ahiminuni  alloy  for  use  in  a  screw  sht-ll  is  re(|iiired  to  l)e  a  wrought 
allov  eniployinx  manjianese  and  or  maKnesium  as  llic  principal  alloving 
malerial  (with  the  possible  addition  of  chromium),  and  containing  not 
more  than  l.."i  percent  of  iron  and  silicon  combined  and  not  more  than 
one  percent  of  all  other  normal  impurities  of  aluminum  (including  a 
nia.ximum  of  II. 1'  jjercent  of  cop])er). 
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Subject  83 


December  28,    1953 


To: 


Holders  of  the  Standard  for  Thermoplastic-Insulated 

Wires. 


Subject:   Optional  Spark  Test. 

Attached  to  this  bulletin  Is  a  sticker  insert 
carrying  the  revised  text  of  paragraphs  IO7-IO9  of  the 
Laboratories'  Standard  for  Thermoplastic-Insulated  Wires. 
These  paragraphs  have  been  amended  in  accordance  with  the 
bulletin  of  October  5,    1953. 

Plan  A  has  been  dropped  from  the  spark-test  program, 
and  Plan  B  has  been  extended  to  include  single-conductor  wires 
up  to  and  including  the  No.  k/O   Awg  size,  effective  forthwith. 


Standard. 


Please  insert  this  sticker  in  your  copy,  of  the 
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Subject  613 


December  23,    1953 


TO:  Holders  of  the  Standard  for  Concrete  Masonry  Units 

SUBJECT:  New  Edition  of  Standard 

Enclosed   is   a   copy  of  the   December,   1953    edition   of 
Underwriters'   Laboratories,    Inc's  Standard  for  Concrete 
Ilasonry  Units,      This  is  the   fourth  edition  and   supersedes  the 
edition  of  July,   1949.      It  becomes   effective  immediately. 


request. 


Extra  copies  of  this  Standard  are  available  upon 
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S,  INC. 


HWG:RMC 


.^:'  -^''^ 


9>  /^>  AJ-^^a^l. 


H.  i/.  GWYNN 
Engineer 


r 


\ 


CURTIS    R     WELBORN.    PRESIDENT 
MERWIN    BRANDON.    Vice  PRESIDENT 

•  U5" 


FOUNDED    1894 


W      S.    AUSTIN.    SECRETARY 
H      F.    DUNCAN.    TREASURER 


SPONSORED    BY 

National  4onxt  ofFm  Mn&rruirilprs 

161    SIXTH   AVE..    NEW   YORK    13.    NE>*  YORK 


Subject  62 


Januai^y  29,  195^ 


To: 


Holders  of  the  Standard  for  Flexible  Cord  and  Fixture 

Wire. 


Subject:   Conductor  Material  in  Heater  Cords. 

There  v/ere  no  adverse  comments  whatever  in  connection 
with  the  proposal  set  forth  in  the  Laboratories'  bulletin  of 
December  8  on  this  subject;  and,  accordingly,  paragraph  19  of 
the  Standard  has  been  amended  to  permit  the  acceptance  of  heater 
cord  employing  a  special  copper-alloy  conductor  having  a  re- 
sistance of  not  less  than  80  percent,  provided  that  the  cord 
is  judged  to  be  suitable  for  the  purpose  on  the  basis  of  a 
special  investigation. 

Please  insert  the  attached  sticker  on  page  22  of  your 
copy  of  the  Standard. 
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Subject  198 


February  26,  195^ 


To: 


Holders  of  the  Standard  for  Fuses. 


Subject:  Washers  at  the  Interior  Terminals  of  Renev^able 

Cartridge  Fuses. 


of  December  7  on  the 
rtrldge  Fuses"  discussed 

terminals  of  renewable 
acts;  and  the  proposal 
Electrical  Council  and  the 
cartridge  fuses  that  the 
elude  a  requirement  for 
compression  washer  at 
artrldge  fuse  of  the  knife- 


The  Laboratories'  bulletin 
subject  of  "Heating  of  Renewable  Ca 
briefly  the  heating  at  the  interior 
fuses  due  to  slightly  loosened  cont 
was  presented  to  the  Laboratories' 
manufacturers  of  labeled  renewable 
Standard  for  Fuses  be  amended  to  in 
the  use  of  an  acceptable  spring  or 
each  link  terminal  of  a  renewable  c 
blade  type. 

There  followed  a  discussion  of  the  proposal  by 
correspondence  w?th  some  of  the  ^-^--^-.rrtep^nihf' 

?^r^iL:LrrtirkrwhrrshoSd%rS:erted   on  page   10   of 

your  copy  of  the  Standard. 

Th-'s  new  requirement  will  become  effective  on 
.     V   n   iSrk   Tn  the  meantime,  the  manufacturers  of 
September  1,  195^-   i^  \^^     I   lit   nr   thP  knife-blade  type 
labeled  renewable  cartridge  fuses  of  ^^|jSi^\°  order  to 
should  submit  samples  js  promptly  as  P°^^f  ^^^f  ^^  their 

Sfl^rerJfce^rofedufer5o:"tL^?fod^u:t's  in  question. 
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Subject  573 


Mew  York  13,  N.  Y. 
July  12,  1961 


To:       Electrical  Council  of  Underwriters'  Laboratories,  Inc., 

and 
Manufacturers  of  Listed  Electric  Air  Heating 

Appliances,  Duct  Heaters,  and  Central  Heating 
Furnaces 

Subject:   Requirements  Applicable  to  Electric  Space  Heating 
Equipment,  and  Review  of  Listed  Equipment 


In  our  letter  dated  April  19j  196I  which  accompanied 
the  new  Standard  for  Electric  Space  Heating  Equipment,  it  was 
indicated  that  all  of  the  requirements  of  the  Standard  would  be 
effective  immediately  and  that  it  was  anticipated  that  a  review 
of  all  listed  equipment  would  be  completed  prior  to  April  1, 19o2 
to  determine  compliance  with  the  new  requirements. 

The  pu-rpose  of  this  letter  is  to  clarify  the 
Laboratories  position  with  respect  to  new  submittals  made 
between  the  date  of  issuance  of  the  Standard  and  April  1,  1962, 
and  to  Indicate  the  first  step  required  in  connection  with  the 
review  of  present  listed  items. 

If  a  manufacturer  wishes  to  submit  a  design  of 
equipment  which  was  formulated  prior  to  the  Issuance  cf  the 
Standard,  or  which  is  an  extension  of  a  present  design  which 
will  require  modification  in  accordance  with  the  requirements 
of  the  nevj  Standard,  upon  his  specific  request,  the  submittal 
can  be  considered  in  the  light  of  the  requirements  previously 
applicable  from  the  August,  I956  edition  of  the  Standard 
for  Electric  Heating  Appliances.   If  the  equipment  meets  these 
requirements,  it  will  be  listed  and  will  then  be  subject  to  the 
same  review  and,  unless  subsequently  modified  to  meet  the 
requirements  of  the  new  Standard,  will  be  dropped  from  listing 
at  such  time  and  in  the  same  manner  as  other  equipment  which  is 
found  not  to  meet  the  requirements  of  the  new  Standard. 
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)62 


TO:      Electrical  Council  of  Underwriters'  Lab 

and 
Manufacturers  of  Electric  Air  Heaters 

SUBJECT:  Marking  of  V/all  Insert  Space  Heaters 


In  the  recently  issued  Standard  on  Electric  Space-Heating 
Equipment  provision  was  made  in  paragraphs  212  and  251  for  the 
marking  of  wall  insert  heaters  of  other  than  the  baseboard  type, 
to  indicate  that  they  were  for  mounting  with  the  bottoms  not  less 
than  2  ft  from  the  floor. 

Mr,  R.  E.  V/ard,  a  member  of  our  Electrical  Council  and 
the  Chief  Electrical  Inspector  for  the  State  of  Tennessee,  and  a 
number  of  the  electric  cooperatives  in  that  area  who  utilize  these 
heaters,  have  called  our  attention  to  the  problem  which  this  mark- 
ing is  creating.   It  apparently  is  resulting  in  the  utilization  of 
heaters  much  less  desirable  from  the  safety  standpoint. 

The  records  of  the  Electrical  Inspection  Department  of 
the  State  of  Tennessee  also  indicate  that  the  relatively  few  fires 
that  have  resulted  from  the  installation  of  wall  insert  type 
electric  heaters  have  been  due  to  the  placing  of  furniture  in  front 
of  these  heaters  during  the  summer  months  with  resultant  ignition 
when  the  room  thermostats  call  for  heat  in  cooler  weather,  and  the 
suggestion  was  made  that  the  incorporation  of  a  manual  reset 
thermostat  in  the  heater,  designed  to  simultaneously  interrupt  all 
ungrounded  conductors  in  the  "off"  position,  as  described  in 
Section  422-29  of  the  National  Electrical  Code, 
the  incorporation  of  a  manual  disconnect  switch 
all  ungrounded  conductors  in  the  "off"  position 
increased  safety  and  perr.it  the 
at  whatever  height  from  the  floor  tha 
inspection,  authorities. 
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Subject  508  Chicago        _ 

December  26,  1962 


To:       Holders  of  the  Standard  for  Industrial  Contrcl 
Equipment 

Subject:   Revised  Edition  of  the  Standard  for  Industrial 
Control  Equipment 

Accompanying  this  letter  is  a  copy  of  the 
December,  1962,  revised  edition  of  the  Laboratories' 
Standard  for  Industrial  Control  Equipment,   This  is  the 
ninth  edition,  superseding  the  eighth  edition  of  May,  '^956^ 

The  revised  edition  of  the  standard  has  beet: 
J-.- epared  as  a  result  of  careful  study  of  the  subject  by 
the  Laboratories  staff;  it  has  been  reviewed  by  and 
discussed  with  the  manufacturers  of  listed  industrial  o-^r"v-?.L 
equipment,  and  with  others  known  to  have  an  interest  in 
the  requirements  that  the  standard  contains;  and  it  has 
been  approved  by  the  Laboratories  Electrical  Council, 
which  is  comprised  largely  of  inspection  authorities 
throughout  the  United  States. 

The  contents  of  this  edition  of  the  standard 
are  in  accordance  with  the  Laboratories'  bulletins  of 
August  8,  1961,  May  2A,  1962,  and  September  25,  1962; 
and  there  have  been  a  few  further  modifications  of  a 
purely  editorial  nature. 

The  requirements  in  the  ninth  edition  of  the 
standard  are  effective  forthwith,  except  that  the 
requirements  in  paragraphs  101,  105,  235,  and  in  the  final 
sentence  of  paragraph  50  do  not  become  effective  until 
January  1,  196A,  and  the  reqviirements  in  paragraphs 
57-62  and  116  and  in  Tables  VI  and  VII  do  not  become 
effective  until  July  1,  1964.   Between  now  and  the  time  *-. 

that  these  paragraphs  and  tables  become  effective,  it  is  '- 

expected  that  each  manufacturer  will  review  each  item  ^i  - , 

of  his  product  that  is  now  listed  to  determine  whether         ^  "^ 
or  not  it  complies  in  all  respects  with  the  requirements      -<)  -y 
given  in  the  new  edition,  and  that  he  will  make  all    _      ^  ^-^ 
changes  necessary  for  compliance,  keeping  the  Laboratories      '^ 
informed  of  his  activities  in  this  respect,  '  -* 
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